e)   Replace the plate logs with new logs cut and

notched to match the old ones.  Use #4 rebar in 24 inch lengths every
3 feet to attach the plate logs to the other logs on the walls.

f)   Replace all planks that were removed.  Every

5th plank should have a 6 inch dovetail extending beyond the end of the
rest of the planks.  (Note:  Replacements should be the same basic size
and shape - tool marks should be applied to the underside of each
plank.)

g)   New butting poles should be ripped in half
and cut to fit over the dovetails at the ends of the planks.

h)   Rafters  (2 inch x 6 inch)  are placed 16

inches on center on top of the ceiling planks starting flush with the 4
1/2 inch diameter log fascia at each end of the ceiling planks.

i)  Fascia boards (1 inch x 6 inch) should be
nailed to the ends of the raters with 12d nails.

j)  Attach the butting poles, si id ing them onto

the dovetails from above and nailing them to the ends of the ceiling
planks with 20d nails.

k)  Roof sheathing (1 inch x 8 inch) is applied
with 12d nails across the rafters.

1)  Roofing  felt  (30 pound)  should be rolled

along the sheathing starting from the bottom of each eave. (Applied
with 1 inch roofing nails to 4 inch lap top and bottom.)

m)   Galvanized,  rolled  tin,  24 gauge  in 30

inch rolls is to be cut into 30 inch x 30 inch sheets and treated with
vinegar to remove the oils.

n)  The tin sheets are then applied across the

bottom of the eave with a 6 inch lap on the sides and 6 inch laps
between each row. (Asphalt roofing tar is to be applied between each
sheet where they lap.) The sheets are nailed with 1 I/4 incn
leadhead roofing nails with tar applied over each exposed nailhead.

o)  Paint roof brown when tar sets up.
2)  Walls  (Main cabin):

a)  Remove all cloth covering walls.

b)   Carefully remove trim from east and west
windows.  (Trim will be reused.)

c)   Carefully remove window frames and sashes
from east and west windows.  (Frames and sashes will be reinstalled.)

45 cabin.
